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BLOCK WIRING DIAGRAM. 
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TYPE OF 


STR-A 

"OtT 

STR-A 

TI 


CIRCUIT DESIGNATION 

— ©emCATJON TAG: UGHT TEXT REPRESENTS EXISTING 

sABLt Us to weSKn. hIavy TEXT REPRESENTS THE TAG 
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FOR CABLE RUN TO MXLRV v nMa 
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TUBING SHALL BE USED ON ALL DRAIN CONDUCTORS. SEE TYPICAL 
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TO NEXT DEVICE. 


INSTALL CLEAR SHRINKlJBE. 


4. ALL WORK SHALL BE OONE IN THE PRESENCE OF THE ENGINEER. 
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